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METHODS OF TEST FOR RIGID CELLULAR 
THERMAL INSULATION MATERIALS 

PART 12 HORIZONTAL BURNING CHARACTERISTICS 
0. FOREWORD 



0.1 This Indian Standard (Part 12) was adopted 
by the Bureau of Indian Standards on 10 May 
1988, after the draft finalized by the Thermal 
Insulation Materials Sectional Committee had 
been approved by the Chemical Division 
Council. 

0.2 In the preparation of this standard, con- 
siderable assistance has been derived from 
BS 4735 : 1974 'Assessment of the horizontal 
burning characteristics of specimens not larger 



than 150mm X $0 mm X 13 mm (nominal ) of 
cellular plastics and cellular rubber materials 
when subjected to a smaller flame'. 

0.3 In reporting the result of a test made in 
accordance with this standard, if the final value, 
observed or calculated, is to be rounded off, it 
shall be done in accordance with IS : 2-1960*. 



♦Rules for rounding off nunacrical values ( revised ). 



1. SCOPE 

1.1 This standard ( Part 12) prescribes a small 
rcale laboratory procedure for comparing the 
relative horizontal burning characteristics of 
sigid cellular thermal insulation material by 
exposing the specimen to a low energy source of 
heat. 

1.1.1 It has no relevance to the environmental 
conditions under which rigid cellular thermal 
insulation materials may be used either singly or 
in conjunction with other materials. 



of this standard, the 
3069-1 965* shall apply. 



2. TERMINOLOGY 

2.1 For the purpose 
definitions given in IS 

3. GENERAL 

3.1 Tests made on specimens of material under 
the conditions described in this staadard can be 
of value in controlling the manufacturing 
processes to ensure consistency of production. 
There is no known evidence of correlation bet- 
ween the results of such tests and burning under 
actual use conditions. Therefore, conclusions 
shall not be drawn from such results regarding 
burning behaviour under actual use conditions. 
If it is desired to measure and compare 

the fire hazards for a fini shed product, another 
test method which simulates as nearly as 
possible the actual conditions of use has to be 
used. 

3.2 Horizontal burning characteristics under the 
action of a small flame as measured by this test 
procedure are affected by such factors as density 
and anisotropy of the cellniar material and the 
thickness of the specimen. 



•Glossary of terms, symbols and units relating to 
thermal insulation materials. 



3.3 Some test specimens of certain materials may 
shrink from the applied frame without igniting. 
In this event, test results are not valid and 
additional test specimens may be required to 
obtain the ten sets of data required. 

3.4 Test specimens of certain materials may show 
burning only along the upper surface. In such 
cases, measurement of percentage mass loss may 
be made and reported if required. 

3.5 Inter -laboratory trials have shown that many 
variables influence the reproducibility of the 
results of this type of test. For this reason, the 
procedure laid down shall be adhered to in all 
respects, specially as regards the use and the 
construction of the test chamber and the use and 
location of the support gauzes and gauze holder. 

Note — Since, with seme materials, the horizontal 
burning characteristic of test specimens may change 
with time, it is advisable that a scries of tests should 
be carried out bofh before and after an appropriate 
ageing procedure, details of vvbich should be given in 
the test report. 

4. APPARATUS 

4.1 Test Chamber — A test chamber shall be 
used, constructed of asbestos insulating board, 
having inside dimensions of 600 ± 5 mm length, 
300 ± 5 mm width and 760 ± 5 mm height, and 
being otherwise as depicted in Fig. 1. To allow 
easy access between tests, the chamber may be 
designed so that the front panel containing the 
window is removable, but if so constructed then 
provision shall be made for ensuring that a 
draught- proof seal is obtained when the panel is 
in position. The chamber shall be used in a 
fume cupboard. The air in the chamber shall 
be draught-free, yet permit normal thermal 
circulation of air past the specimen during the 
burning. 



1 
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VENTILATION 
CHIMNEY 




CASlNei MADE FROM 
ASBESTOS BOARD 
(THICKNESS 6mm) 
WITH DRAUGHT- PROOF 
SEAL OU L!0 Af40 
FRONT PANEL 



TOUGHENED GLASS 
511CING DOOR WITH 

OkAUGHT -PROOF 
SEAL 



All dimensions in millimetres. 
Note 1 — The dimensions shown for the test chamber are internah 

Note2 — It is recommended that the bottom of the window be approximately 25 mm below the normal 
position of the gauge during the test ( see Fig. 4 ). f j uc iiurui*i 

Fig. 1 Test Chamber 



4.2 Fuel Supply — Propane/natural gas of at 
least 93 percent purity supplied through pressure 
regulating and on/off valves, shall be used. 

4.3 Burner — A burner of internal barrel 
diameter 9*5 i 0'5 mm and jet size 0'3 ± O'l 
mm shall be used. The jet shall be such that 
the propane pressure to obtain the flame as 
shown in Fig. 2 is less than 7 kN/m*. 



4.4 Wing Top — A wing top having an opening 
of internal length 48 ± I mm and internal width 
3-0 ± 02 mm shall be fitted to the burner. 

4.5 Specimen Support Gauze — The support 
shall be 215 mm long, 75 mm wide and shall 
have 13 mm of its length bent to form a right 
angle as mdicated m Fig. 3. It shall consist of 
6-4 mm mesh gauze constructed from 0"S rum 
diameter steel wire. A minimum of four su-^ports 
shall be available. 




— ■ The gauze holder snail 
mild steel and shall be 
so that; 



oe 

IS 



PROFILE OF VISIBLE FLAME 
38mm HIGH 

PROFILE OF INNER CONE 
Smm HIGH 



BURNER WING TOP(SIOE VIEW 



4.6 Gauze Holder 

constructed from 
depicted in Fig. 4, 

a) the gauze is maintained with its long axis 
horizontal to within ±1°, and parallel to 
the 600 mm dimension of the test 
chamber; 

b) the nearest end of the specimen is 
13 ± 1mm above the burner wing top 
{see Fig. 2); 

c) the space both above and below the 
specimen is unobstructed; 

d) a means is provided for clamping the 
burner in the correct position relative to 
the specimen; and 

e) the gauze is equidistant from front and 
back, and from the sides of the test 
chamber, and is 175 ± 25 mm above the 
base of the test chamber. 



All dimensions in millimetres. 

Fig. 2 Details of Flame and Relative 

Positions of Burner Wing Top, Speci men 

AND Specimen Support 



4.7 Timing Device — A timing device 
to within ±1 second shall be used. 



accurate 



4.8 Measuring Scale — A measuring scale 
graduated in millimetres shall be used. 
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^BURNER WING TOP 



All dimensions in millimetres. 
Fig. 3 Dimensions of Specimen and Specimen Support 




All dimensions in millimetres. 

Fig. 4 Gauze Holder 



5. SIZE, NUMBER AND MARKING OF TEST 
SPECIMENS 

5.1 Ten specimens shall be cut from a represen- 
tative sample of the material. Care shall be 
taken to remove all dust and any particles from 
the surfaces. 

5.2 The standard specimen shall be 150 dz 1 mm 
long and 50 ± 1 nim wide. Material supplied 
in thicknesses over 14 mm shall be cut to 13 ± 
1 mm thickness, any skin having been removed. 
Materials supplied in thicknesses of 14 mm or 
less shall be tested at the thickness supplied 
provided that this is not less than 5 mm, and in 
this case skins need not be removed. 

5.3 Each test specimen shall be weighed, if 
required {see 3.4) and shall be marked across its 
width by a line 25 mm from one end, referred 
to hereafter as the gauge nuirk. For s?imples 



which have a skin on one side only which is 
normally the exterior surface of the material, 
the gauge mark shall b« placed on the surface 
with the skin. 

6. CONDITIONING OF SPECIMENS 

6.1 The material shall be tested not less than 
72 h after manufacture. 

6.2 The test specimens shall be conditioned for 
not less than 16 h at 27 ± 2°C and 65 ± 5 
percent relative humidity. 

7. PROCEDURE 

7.1 Adjustment of Flame 

7.1.1 Ensure that the chamber lid is closed and 
that the fume cupboard fan is off. 

7.1.2 Adjust the burner and gas pressure to 
provide a blue flame whose visible portion is 
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38 d= 1 mm high, with a clearly defined inner 
zone 6 ± 1 mm high, using, for example, preset 
calipers. 

7.1.3 Turn the gas off. 

7.2 Adjustment of Specimen Support — Place a 
clean specimen support gauze in the holder so 
that the lower surface of the specimen is 
13 i 1 mm above the tip of the burner wing top 
as shown in Fig. 2. The relative position of the 
burner and the holder shall be such that when 
the specimen is in position, one edge of the flame 
is in line with the end of the specimen and the 
other edge of the flame extends into the specimen 

as sinjwii 111 I'lg- -^- X iiv wi-inv wi liiv iTiii£, •.v^i^ 

shall be directly under the centre line of the 
specimen when positioned. Ensure that the 
front panel of the test chamber is sealed. 

7.3 Positioning of Specimen — Open the glass 
sliding door and place a test specimen on the 
suppoit in such a manner that: 

a) the surface on which the gauge mark has 
been made is uppermost; 

b) the end farthest from the gauge mark is 
touching the 13 mm bent up portion of 
the support gauze; and 

c) its longitudinal axis is parallel to that of 
the support gauze. 

7.4 Conduct of Test 

7.4.1 Turn on and ignite the gas and simultan- 
eously start the timing device. 

7.4.2 Immediately close the glass sliding door 
of the test chamber and close the door of the 
fume cupboard. 

7.4.3 Note and record the severity of the 
burning characteristics of the specimen, that is, 
warping, charring, melting, dripping and whether 
any drips continue to burn on reaching the floor 
of the chamber. 

7.4.4 Turn off" the gas after 60 s. 

7.4.5 Record 'the time in seconds when the 
specimen flame reaches the gauge mark. 

7.4.6 If the whole of the upper surface has not 
been consumed, record the time when the 
specimen flame extinguishes, that is, the time 
when the yellow or other characteristic flame in 

disappears. In some cases, the specimen flame 
may extinguish within the propane flame. In 
these cases, the extinction time shall be taken as 
the time when the discoloration imparted to the 
propane flame disappears. 

Note — Drips falling into the fcurner should be 

iawi/\r^ri iitiIacc a tjjcjKl^ r^Jigtitrg OCCUTS lH tbc OSDIC. 

In this case, the test on that specimen should be 
abandoned and after cleaning the burner and wing 
top, a new specimen should be substituted. 

7.5 Measurement of Extent Borot 

7.5.1 Switch on the fume cupboard fan, open 
the test chamber lid and the g^ass sliding door 
aou remove txie specimen anu luc specimen 
support. 



7.5.2 Measure and record the extent burnt 
which is equal to 150 mm minus the distance 
from the unburnt end to the nearest evidence 
(such as charring) of the flame front along the 
upper surface o^ the specimen. If the whole of the 
upper surface is affected, record the extent burnt 
as 150 mm. 

7.5.3 If the measurement of peroentage mass 
loss is required, reweigh the test specimen not 
including anything which has fallen from the test 
specimen. 

7.6 Preparation for the Next Test 

7.6.1 Burn and clean off any residues remain- 
ing on the specimen support. Use at least four 
supports in strict rotation to allow each to cool 
to room temperature before re-use. 

7.6.2 Examine the burner, wing top and glass 
sliding door for cleanliness, and clean if necessary. 

7.6.3 Check the flame size at least after every 
five tests. 

7.6.4 Close the test chamber lid, switch off the 
fame cupboard fan, and repeat the test from 7.2 
for the other specimens. 

8. CALCULATIONS 

8.1 If the flame front passes the gauge mark, 
then the burning rate of the specimens: 

r /\ 125 
(mm/s) = -— - 

where th is the time in seconds in which the 
flame reaches the gauge mark. 

8.2 If the flame front 'does not reach the gauge 
mark, then the burning rate of the specimen: 

, , X burnt 
(mm/s) = —- — 

where te is the time in seconds when the flame is 
extinguished. 

8.3 Calculate the mean extent burnt, the mean 
extinction time and the mean burning rate and, 
if required, the mean percentage mass loss for 
the test specimens. 

9. TEST REPORT ~~ 

9.1 The test report shall include the following: 

a) The statement 'The following test results 
relate only to the behaviour of the test 
specimens under the particular conditions 
of test; they shall not be used as a means 
for assessing the potential fire hazard of 
the material in use'; 

b) A description of the material tested, 
including: 

1) The nominal apparent density of the 
material; 

2) The thickness to the nearest millimetre 
of the test specimen; 

3) The presence or the absence of the 
skins; 

4) Any prior treatment before testing other 
man cutting, trimming anu conuition- 
ing; and 
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5) The direction of any anisotropy, 

c) A description of the baming characteri- 
stics of the test specimens* that is, warping, 
charring, melting, dripping and whether 
any drips continue to bum on reaching 
the floor of the chamber; 

d) The mean extent burnt for the test 
specimens {see Note); 

e) The mean extinction time te for the test 
specimens {see Note); 

f) The mean burning rate for the test 
specimens {see Note); and 

g) The mean mass loss, expressed as a 
percentage. If. required. 

NoTfi — Experience tss shown that '^or both 
descrjmination and repjoducfbjUty, the meai: extaat 
is the preferred ^t^t fr:*er.'oi:i- 



Inter-laboratory tests on specimens from four 
materials gave 95 percent confidence limits on 
measurements of extent burnt as follows: 

95 Percent Confidence 
Limits Including Inter* 
Laboratory and 
Testing Errors^ mm 
± 8 



Mean Extent Burnt of 
Test Specimens, mm 



17 
18 
29 
41 



±10 
±12 

±18 



In view of tbe reproducibility of the test 
method as indicated by the confidence ?ioJt5 
stated above, it is recommended "hat resu 
n^ean extent biirrt she i: Id ^^. reported 
"direst 25 zjz:>. ? ;:i=T,~ fc - 1*^ "ean ex, 
ume srf tLe Tr.:ia i:i-: -^c -•- . . '':f 
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